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TABLE 7   Container Size Limitations for Flammable and Combustible Liquids

Flammable Liquids
							Combustible Liquids
			
Class IA
			Class IB
	
	Class 1C
	
	Class II
	Class IIIA
		
Type of Container
	Liters
	Gal
	Liters
	Gal
	Liters
	Gal
	Liters
	Gal
	Liters
	Gal

Glass
	0.5
	0.12
	1
	0.25
	4
	1
	4
	1
	4*
	la

Metal (other than DOT drums)
	4
	1
	20
	5
	20
	5
	20
	5
	20
	5

Safety cans
	7,5
	2
	20
	5
	20
	5
	20
	5
	20
	5

Metal drums (DOT specifications^)
	225
	60
	225
	60
	225
	60
	225
	60
	225
	60

Approved portable tanks^
	2500
	660
	2500
	660
	2500
	660
	2500
	660
	2500
	660

COSHA limitation; NFPA Nos. 30 and 45 allow 20 liters (5 gal).

^Maximum size permitted in a laboratory for Class I materials is 20 liters (5 gal); drum size is permitted only in an inside storage room (OSHA

1910.106 and NFPA No. 30).

^Permitted only outside of buildings.